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and it wras reported to me by the man who was acting as (imp-
keeper that the leaks in the* pipes had actually been stopped.
"The sludge pan and the screen had not been provided, and
no drawing showing the contemplated arrangement was avail-
able.
"A sludge pump and its connections had not been installed.
" The drains emptying the various tanks in ruses of rmergfiiry
were; (dogged.
" Two of the filter beds were unfinished, and (he*crushed stntn%
sand and pipe* required to finish thorn uncording to the plan hud
not been ordered.
"The filter beds had become, overgrown with weeds.
"There were other matters that came* to my attention noon
after I began work upon the system, which will be referred In in
their proper places.
" The first work undertaken wan to discover the exact location
of the leaks through, which the water escaped from the septic
tanks. These leaks were in the pipes leading from the roughing
bods to the trough behind the dosing tank.
" 1 was informed that the.se pipes hud all been taken up and
relaid in concrete, but I insisted upon having one taken up for
my own inspection, and found that only flu* upper joints had
been relaid in concrete, and that the joints where the fibown
approaching the walls of the roughing bedn all leaked, and that
many of the elbows were* broken. The**e pi pen Mtould originally
have been embedded in concrete not IWA than MX inchi'S thick
underneath the bottom of the* ellx>w.s and extending from this
walls of the roughing beds to the ixtftom of the* channels. 1
had them all moved and relaid in concrete*, To do thir* if
necessary to remove a large* jjortion of the crushed Hi one from
the passage. Such of this Btone as came from under the doling
tank was replaced, and the balance removal
" In the original design the bottom of the
placed on a level with the bottom of the              as